EXISTING BWLDWG CROUHO BUS 


-EXISTING FEDERAL PACIFIC. 1600X ALUM 
Pa«£D PHASE BUSWAY TO REU>JN 


iransthon box 
(typical) 


PI #18 


CONDUITS TURNING 
UP (TYP) — 


P£ #19 


P£ #20 


CONDUCTS TURNING 
PC |2l 



NOTES: 

1. SEE DRAWING £-1 TOR BUSWAY SCHEDULE & GENERAL NOTES 

2 TRANSFORMERS & SWITCHBOARDS WILL BE UVE DUR1NC INSTALLATION 


SUBSTATION fSS-75N 


EXISTING HIGH VOLTAGE 
FEEDER 


EXISTING TRANSFORMER 
(SOOXVA. U8XV- 
480/2? ?V (TYP) 


(SUBSTATION SS-75N) 


SUBSTATION 
SS-75N 


(2) 9ff OFFSETS (DOWN 
IN ELEVATION) 


I — I 


SHAFT & 
ELEC. CL 
AREAS 


20OOA, COPPER FEEDER BUSWAY, 
SEE GENERAL NOTE #6. DWG E-1 


ONE WQRIP 
TRADE 


TWO WORL D 
TRADE 


t 


SECURE TO 
BUILDING 
STRUCTURAL 
BEAMS. SEE 
DETAL DWG 
#£-24 & 
A9CH DWCS 


SEE RISER DRAWING E-1 6 & 
DWG E-12 FOR CONTINUATION 

UP TO CABLE SUPPORT 
BOX ON 79TM FLOOR 


WORK AREA KEY PLAN, 


TO RESPECTIVE CABLE 
TOP BOX 


200QA, COPPER FEEDER BUSWAY, 
SEE GENERAL NOTE #6. DWG E-1 

TRANSITION BOX 


T(E into EXISTING switchboard 
BUS. PROVIDE NEW BUS DETAIL 
AS REQUIRED 



SEE ARCH DWC'S 
FOR ACCESS PANEL 
DETAIL 


EXISTING 480/277V 
SWITCn£,?&Of) (TYP) 


SECTION A-A 


•5-4* CONDUITS, 4#500KCM1L & 
104/0 CND WIRE 


CAfiLE SUPPORT 
BOX, NEMA TYPE 4, 
3e"X3G"Xie"D WITH 
COVERS ON FRONT 
AND BACK 


5-4" CONDUITS. 4#S00KCMJL * 
I #4/0 GNO WIRE 


SECTION B-B 


SEE RISER DWG C~i6 & 
DWG E-12 F1P CONTINUATION 
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2-8 «4-l 
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LOW VOLTAGE DISTRIBUTION 

ONE WTC 

ELECTRICAL 
75TH FLOOR 

NORTH SIDE 

BUS & RISER CABLE LAYOUT 
(SUBSTATION SS-75N) 
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